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COMPLETE   SPECIFICATIONS.
Lightning Arresters.
Feeder*.
ing the wire. Pull-offs must be located not further apart than 4 feet. Where necessary, the Contractor shall furnish crossings and switches to be located in the trolley wire at turn-outs.
Lightning arresters shall be located along the track not more than 3,000 feet apart. They shall be of a design to be approved by the Engineer, who shall designate their exact location and the manner in which they shall be connected to the . feeders and trolley wire. They shall be grounded by means of a No. 6 insulated copper wire, soldered to a copper plate not less than one square foot in area, buried in a bed of wet, crushed charcoal^ at least 6 feet deep in the ground.
Feeders shall be furnished according to the drawings above enumerated. They shall be drmwn into the power house and their ends left long enough to connect with the switchboard. The Contractor, however, will not be required to make thi# connection. The Contractor will be required to furnish the ground feeders for connecting the rail* witli the switchboard. He will make the connection with the rails as indicated in the feeder drawing tod will leave the ends of these feeder* long enough to connect with the switchboard.
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